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within the sixty days' period herein mentioned, the overcharge shall be
computed back to but not beyond, such time. No part of any minimum
service charge shall be refunded.
(b) Slow Meters. If on test of any gas service meter made by the
Commission, as may be later authorized, or by the utility under Rules 20
and 21, whether at the request of a consumer or not, it be found more
than three per cent. slow, the utility may collect from the consumer the
amount estimated to be due from the consumer for gas used, but not
charged for in bills rendered not to exceed the sixty days previous to re-
moval of the meter. (Filed, secretary state's office-August 4, 1937.)
HEATING VALUE REQUIREMENTS AND TESTS
Rule 23. Calorimeter Equipment and Laboratory. (a) Each utility
selling more than ten million cubic feet of manufactured gas per year
shall provide and maintain a calorimeter of a type approved by the Com-
mission, and all necessary accessories therefor.
(b) The calorimeter equipment shall be installed in a suitable testing
station, the location of which testing station shall be selected by the
utility and approved by the Commission.
(c) The accuracy of all calorimeters, as well as the method of making
heating-value tests, shall be subject to the determination and approval of
the Commission or its representative. (Filed, secretary state's office-
August 4, 1937.)
Rule 24. Heating Value Tests. (a) Each utility maintaining a calorim-
eter testing station shall there determine the heating value of the gas
supplied to its consumers at least once each day, Sundays and holidays
excepted, unless the sales of the utility in the community or communities
for which this station is to serve are less than fifty million cubic feet of
gas per year, in which case the heating value of the gas shall be determined
on not less than three days each week.
(b) Each utility making heating-value determinations shall adopt, sub-
ject to the approval of the Commission, a standard form for recording
the results of each such test. Each determination of heating value shall
be recorded originally upon the form adopted for that purpose, and such
forms shall be retained as a permanent record. (Filed, secretary state's
office-August 4, 1937.)
Rule 25. Heating Value Requirements. (a) Average. Requirements.
Each utility supplying manufactured gas shall maintain the monthly aver-
age heating value of such gas at any point within one mile of the manu-
facturing plant at not less than 540 British thermal units gross per cubic
foot. Provided, however, that in the case of gas produced in the by-product
coke-oven process, or in case of other good and sufficient reason any
utility finds it impracticable to manufacture gas of the heating value afore-
said. it shall file a statement with the Commission clearly setting forth
all pertinent facts, and the Commission, after investigating may by special
order fix such lower average heating value standard as may by it be
deemed proper for said utility.


